

NORMAL FTFDTR TO MK Mft 

°- " SJS*^^ C0T * **£ ™>" SWGR. BUS #1 TO 
BUS *a VIA TRANSFER SWITCH (ENERGIZE) 

£MERG. TFOFR TO BUS in 

0 ~ CUT EXIST COT, A-2 (2 COT'S) & REMOVE BACK 
TO EXIST, SWGR, 

b ' " 1^1^ COT. FROM TRANSFER SWITCH TO ONE 

EMST. A-2 COT. & CONNECT. 

e- - INSTALL FOR id FROM TRANSFER SWITCH TO P.8.#1 

- d. - "V SPUCE TO EXIST. FOR W P.8.#1. (ENERGIZE) 
CQNTROt FOB RAMhj Pi FYftT^Fffr 

o. - DISCONNECT EMST. AND CONNECT CONTROL WIRING 
DESIGNATED <(2A ON DWG #E-97. 

bank Tf n^, v 

°- " t^suS^ 3 * 4 " REUWE BACK T0 

c - INSTALL FDR R-J3 FROM BUS f EL TO P.8 #1 
LEAWNC SLACXFOR PULL TO PNL f EL-A42W. 
" * " PPSS^CT REMOVE OUST. & INSTALL FOR R-13 
IN EMST COT TO PNL f EL-A42W. (ENERGIZE) 

- REMOVE EMST. FOR R-I3 BACK TO SWCR. 

g**n *a" nfy.. 

* " TO^EM^'sScR. R ~ 13 <2 C ° TS) * REM0VC BACK 

6 " COT RjOfl FROM BUS f EL TO ONE EMST. 

COT. (R-13) ft CONNECT, 

c. - INSTALL FDR R-lp FROM BUS §0. TO P.B. #1. 

- d - CUT EMST. FDR. (R-10) IN P.B. f 1 AND SPUCE 

TO LOAD SOS. (ENERGIZE) 
e. - REMOVE EMST. FDR R-10 BACK TO SWCR. 

aw* "FY, 

0 " COT. fi=JH FROM BUS #EL TO EMST. 

COT. (R-13) * CONtttCT. 

b. - INSTALL FOR. JfcJi FROM BUS §EL TO P.B. #1. 

- CUT EMST. n*t R-11 H P.B. #1 AND SPUCE 
TO LOAD SIDE. (tNERCCE) 

- REMOVE EMST. FDR. R-1I BACK TO SWCR. 


o. - CUT EMST. CDT. R-11 & REMOVE BACK TO EMST. SWCR 

b ' " COT -8=12 FROM BUS #EL TO EXIST. 

COT. (R-lt) & CONNECT 

c. - INSTALL FDR R-1? FROM BUS #EL TO P.B. 1 1, 
*— d " - S",i*KT. FDR R-1 2 IN P.B. #1 AND SPUCE 
TO LOAD SIDE. (ENERGIZE) 
■v «. - REMOVE EMST. FDR R-12 SACK TO SWGR. 

£=i ^DISCONNECT FX1ST Fl fvator transffp 

VA-J^ o. _ REMOVE FDR R-4 FROM EMST. SWGR TO TRANSF. SW. 


. REMOVE 
:E (ENERGIZE) 


' " JfP&S? SPUC£ - H)R IN P.B. §1 
TAP ? EXIST. TRANSF SW & REMAKE SPUCi 
CONTROL rOR RANK ELEVATOR* 

°* " ^^^ E ^^,^°%^ TR0L WWNG FROM EXIST. 
TERMINAL CABINET TO EMST. TRANSFER SWITCH. 

DESIGNATED ON DWG #E-86 


MOTOR CONTROL CENTFR u^-^-aid 
o. - 


*— 

-B=BT EMERGENCY .Tft 


^LLBrS^CDT & WIRE FROM SWGR. BUS #2 
IU liCC— N— 41R 

P«CONNECT DOSn & CONNECT FDR .8=5 Al 
MCC-N-41R (ENERGIZE) 
REMOVE EMST. FOR BACK TO SWCR. 


*/ 
I 


IFSk.'S.m'SBSP ** * 

'NSTALL FDR £=fll FROM SWGR. BUS #2 
TO P.8. §i. 

(KI?, D0ST - FDR(R - 8T>,NPB - " 

WATER SIIPPfY p !?M f>«T 

°' " 001 FROM SWCR BUS #2 TO EMST. 

P.O. jo 

b. - INSTALL FDR £J FROM SWCR. BUS #6 TO P.B. #6 

* " TO T ExS r swCR. R " 3 W * RZUWt *** 

d. - SPUCE TO EMST. FOR (R-3) IN P.8, $6, (ENERGIZE) 


-L=£ PANEL DP-41N 

°" " TOPNL OP^l"* * FROM SWGR. BUS f\ 

*— b " " a^p^enXzeT * 00,-€Cr F ° R - 

c. - REMOVE TEMPORARY FOR. BACK TO SWCR, 

d. - INSTALL REMAINDER OF CKTS tN PANEL DP-41N 

£=2li .480/277V. are ci os »tf ^ T ^ nff ^ 

RJTURF RUN Ml ^thnft"l 

°- ~ Ifi^^*^ ^=2t FROM SWGR. BUS #2 TO 

{END CAP * T TO EXISTING BUSWAY R-2 
b. - REMOVE EMST. BUSWAY R-2 TO EMST. SWGR. 
c. - INSTALL BUSWAY TRANSITION BOX ON EXISTING 
BUSWAY * CONNECT BUSWAY R-2b (ENERGIZE) 

l=2fl 4SO/277V-. HFC CtOS V nrnmr piin ^ ™ ^ ^ 

o. - INSTALL BUSWAY 5=211 FROM SWGR. BUS #1 TO CAP 

SEE RISER DIACRAM STAGE TH STEP (T) , DWG E-18 
&=2 DAJ-ICI KANOYO BANK - *<»h np 

°- " ^^SSL 0 ?! * BETWEEN CT CABINET 
« oWW. BUS § i, 

SPUCE TO EMST FDR (R-7) IN CT CABINET (ENERGIZE) 


1HERESY CERTIFY THAT THIS IS A TRUE AND C0RREC1 
COPY OF ONE OF THE CONTRACT DRAWINGS CON- 
STITUTING A PART OF CONTRACT KO.#yZ-3/%.07/ 
IN THE FORM IN WHICH SAID DRAWINGS 1 EXISTED TAT 

Separties" 6 ^ C0NTRACT WAS exe cut ed BY 

/ / —j, SPEC WRITER , 

ENGIi-itaJ OF 0£S(Gn7^" 


1. - FOR LEGEND SEE DWG. #E-1, FOR GENERAL NOTES 

AND ABBREVIATIONS SEE DWG. #E-2 

2. - FOR NUMBER AND SIZE OF CONDUIT ft WIRE SEE: 

* ~ CONDUIT AND CABLE SCHEDULE 

• OWC. |E-97 - ATS CONNECTION DIAGRAM^ 

3 ' " ^££7?- ^JSfPOR*«l-Y SUPPLY BOTH NEWLY 

4. - coNourr CABLE AM) BUSWAY described in schedule 

STAGE M STEP © SHALL XmWJSD TwORTO^ 
ENERGIZING BUS ft. 2*1 EL FElEDERS TOATUS€ EPST 
FE^MNDUfTs'sHAU. 8E MsSuSn WW {SgS' 

5. - ALL ELECTRICAL OUTAGES SHALL BE PERFORMED 

^^.S^^? 0 *^ OPERATING HOUR* SEE 

^^^JS^SSLLP imjED ■coNomoNSANo 

PRECAtmONS* FOR DESCRIPTION OF ELECTRICAL 
POWER OUTAGE CATEGORCS. 


Title 


TOWER ONE AND TWO 
LOW VOLTAGE- 
SUBSTATIONS 
CONSTRUCTION AND 
INSTALLATION 

ELECTRICAL 

SUBSTATION SS-41N 

STAGE HL LOAD 
TRANSFER SCHEDULE 
AND RISER DIAGRAM 
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